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(D TYPICAL WORKER DECONTAMINATION ENCLOSURE 
(SHALL BE DIMENSIONED ON SHOP DRAWINGS) 
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COVER INTERIOR WALLS, 'FLOOR 
AND CEILING WITH 2 LAYERS OF 
REINFORCED POLYETHYLENE SHEETING 


2x4 STUDS 9 16" OC 


INSTALL PLYWOOD ON SIDE OF FRAME, 
VISIBLE TO THE PUBLIC. 
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ENTRANCE 


WORK AREA — 


INSTALL LOCKERS, BENCHES, 
CLOTHING HOOKS AND SHELVES 


FIRE EXTWCUISKER 




COVER INTERIOR WALLS, FLOOR 
AND CEILING WITH A MINIMUM 
OF 2 LAYERS OF REINFORCED 
POLYETHYLENE SHEETING 

2x4 STUDS & 1 6" OC 


INSTALL FINISHED GYPSUM BOARD OR 
PLYWOOD (SPACKLED, TAPED AND 
PAINTED) ON SIDE OF FRAME, VISIBLE 
TO THE PUBLIC. 


(5) STRUCTURAL FRAMING OF WORKER AND WASTE DECONTAMINATION ENCLOSURES 
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-FIRE EXTINGUISHER 


WALL OPENING TO BE SEALED WITH PLYWOOD OR METAL 

HEREBY certify tJ 4 ttu,c «.«,.. AND MADE AIRTIGHT WITH 2 LAYERS OF POLYETHYLENE 
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TYPICAL WORKER AND WASTE DECONTAMINATION ENCLOSURE 
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BEFORE SEALING, REMOVE GRILLS AND CLEAN ALL ACCESSIBLE 
DUST AND OEBRIS INSIDE DUCT BY HEPA VACUUMING AND SEAL 
EDGES WITH A CONTINUOUS BEAD OF WATERPROOF CAULKING AND 
DUCT TAPE. 

SEALING SUPPLY AND* RETURN DUCT 
WITH PLYWOOD OR METAL PLATE 
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